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NOTE A; 

CONDUIT AND NCC WRING(BEYOND) IN CHANNEL 
CUT IN FLOOR. SEE DWG. A-9, SECTION S3. 
(TYPICAL FOR EACH LOCATION SHOWN ON PLAN) 
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SERVICE: 120/2Q8V, 30, 4W 
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MAIN LUGS ONLY O 


CKT. 
NO. 


DIRECTORY 


1 BASE RADIO 


3 CP RECEPTACLES 9 


5 pp receptacles 

tTfax 


MAIN CIRCUIT BREAKER £& 


LOAD (AMPSl CtR. BKR. 


9 LASER PRINTER 



PENETRATE MXLV CABINET No.t 
CONNECT CABLE TO TERMINAL BOARD. 
SEE GENERAL NOTE 8 ON DWG. E-1. 
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JUL 


cansou uwi 


TELEPHONE ~ . , 
3 POWER (N$C'S) -'l 1/4"C. 

3 POWER - 


SEE NOTE A 
ABOVE 


2"C. 


£4. 


'LB* CONDUIT BODY 

EXISTING GRANITE LAYER 

90' ELBOW FITTING 
EXISTING SLAB LAYER 
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MOUNTING: SURFACE £3 FLUSHQ 
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MAINS: 100 A 


18.5 24.5 24.7 FEEDERS: SEE RISER 


W/ IG BUS; 65 K AiC 


ENCLOSURE TYPE: NEMA1 
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SECTION - FfflE COMMAND CENTER TOWER ONE AND TWO 


0.5 0 


1 



SCALE IN FEET 


i mm^mcmmkr this is a true and correct v. 

COPY OF ONE OF THE CONTRACT Df^JNGSJm ^ 
STTTUTrNG A PART OF CONTRACT NO.&lTC* RW» 6*^ 

m THE FORtf IN WHICH SAID DRAWINGS EXISTED AT ' 
THE TIME THE SAID CONTRACT- WAS EXECUTED tY 

THEP, 


DATE 


ENGINEERS 0ESK3N 


12"x12"x6" 


8"x8"x4" 


TO NCC UPS 
UNITS 


FCO FEEDS TO FCC 
CONSOLE UPS UNITS 
2-1/C #10, 1-1/C #10G t 
1-1/C #10 IG IN 3/4 M C 


EMERGENCY POWER 

PANEL80ARD 
'EDPSG/SLB/A* - 


5-1/C#8,1-1/C#8G 
IN 1 1/4*C ' 



FIRE COMMAND 
CENTER CONSOLE 

8-1/C#10, 

1-1/C#10G, 4-1/C#10 IG. IN 1 1/4"C 

15-1/C #8, 1-1/C #100, 
8-1/C #10 I.G. IN 2"C 
(CKTS 1,2,3,4,5,6.7,9,11) 


FIRE COMMAND CENTER EQUIPMENT LEGEND - TOWER TWO (for console plan see owg. iJ) 


CO 


! — 6 M x6 M x36 H TROUGH 


CONCOURSE LEVEL 


ELEV. 310 T 


/-FCO(TYP. FOR 4) 
f SEE DETAIL ON DWG. E-3. 
FOR FCO CONNECTIONS. 

SUBPANELBOARD 'A 1 : 100A 
Y (W/50A MN CB) 12- 20 A/IP 

C8, 120/208V, 30.4W 

SEE PANEL SCHEDULE. 
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NOTE: 

MOUNT ALL EQUIPMENT 
ON GALVANIZED STEEL 
UNISTRUT CHANNEL 

1 1/2 M x1 1/2*x 12 bAUGE 
SECURED TO WALL . 
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SPECIRCATION 
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SUBSTATION 


f Sr SUBGRADE LEVEL 

fw \m ^* 9^ 


1~}/M 8 ,G CONDUCTOR IN 
gOUTED TO COLUMN 1105 
BOND TO BUILDING STEEL 


3/4 H C. 

SEfE PLAN P3. DWG. E 
T COLUMN. 
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POWER RISER DIAGRAM TO WER TWO 
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CCTV RACK (IN CABLET BaOW) 


KEYBOARD (ON SUOE BELOW) 


PENCIL DRAWER 
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BATTERY CHARGER (IN CABINET BELOW) 
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BASE RADIO W/ MICROPHONE (PENCIL DRAWER- BELOW) 
HOT LINE PHONES (IN VERT CONSOLE) 
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NCC-SU8-C (IN VERT CONSOUE)/C.P.U. k U.P.S. (IN CAB BELOW) 


MOUNTED PHONESET, ELEC QUAD, 


JACKS 
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NCC-FUTURE (IN VERT CONSaE)/C.P.U. it U.P.S. 
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NCC-CONC 


BELOW) 


k U.P.S. (IN CAB BELOW) 
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NCC 


2 (IN VERT CON$OLE)/C.P.U. k U.P.S 
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KLOW) 


STATIONARY 
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VERT CONSOLE) 


19" CCTV 


EIA INTERNAL RACK MOUNT) 120 1 60 


INPUT 
(VOLTAGE! 


PHASE Hz 
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LOAD 
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200 200 P 
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60 1 720 2160 P(EL£CT. QU AD-G.P.); T 


60 550 
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TOTAL 
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FAX 


TOTAL C0NNEG1ED LOAD 
— f — _ — - 
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120 


P; UPS MAX. LOAD; MONITOR, CPU POWERED FROM UPS; SEE 


SEE ITEM 7. 


7,820 


SEE ITEM 7. 
P;T 


SEE ITEM 7. 


PROVIDE k IMSTAU. MONITOR; SIMPLEX MQPfl 
12V LTG. CKT VIA CONSOLE BALLAST BOX; .33A/FAN x$ 3HTR 


FROM 


1,000 



NOTE: ALL EQUIPMENT SUPPLIED 8Y PORT 


AND INSTALLED BY CONTRAC TOR U.O.N. 
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